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Swansea Rural District Council. 


REGULATIONS WITH RESPECT TO WATER SUPPLIES 
in the Parishes of Clase Rural, Penderry, Liandilo- 








Talybont, and Loughor Borough. 
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1.—All applications for a Water. Supply to any 
premises must be made to the Clerk of the Council 
on forms which may be obtained from him. 


2.—The Council reserves power to decline granting 
any such application, and, at any time without notice, 
to cut off any connection. 


3.—Any application granted will be at the following 
rates and subject to the under-mentioned regulations. 


4.— Water for “domestic purposes” (which term shall 
not include a supply for any trade, business, or manu- 
facture, or for horses, or cattle, or for watering roads or 
gardens, or for greenhouses, fountains, or for ornamental 
purposes), will be supplied at the following rates, 
payable half-yearly in advance, as follows, viz. :-— 


Rateable value of premises as specified in the Poor 
Pare not exceeding {20,'Six per Cent. on ihe 
amount of such value, but in no case less than 
6/6 per Annum. 


To Houses’ above £20, Five’ per Cent. on the 
amount of the Rateable value. 


(The Council, if requested in writing before any 
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connection is made, and the consumer entering 
into a special agreement, will also supply water 
for domestic purposes at the rate of one shilling 
per 1,000 gallons, exclusive of meter rent). 


5.—The owners of all dwelling-houses, the annual 
value of each of which does not exceed £10 will be 
chargeable with the rates, instead of the occupiers 
thereof. 


6.—Water for Schools will be supplied at the rate of 
one shilling per 1,000 gallons exclusive of meter rent. 


7.—Water for Churches or Chapels will be supphed 
at the rate of ten shillings per annum, but in every 
case where water is used for motive power, the charge 
will be increased to £1 Ios. od. per annum. 


8 Water for horses, cows, and the undermentioned 
trade purposes (where not taken by meter), will be 
supplied at the following rates per annum, payable 
quarterly in advance, viz. :— 
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9.—Water for gardens or for greenhouses, fountains, 
or ornamental purposes will be supplied at the rate of 
1/- per 1,000 gallons, exclusive of rent of meter. 


10.—Water for building purposes will be supplied at 
the rate of 20/- per house, of a value not exceeding 
£250. If the value of the house exceeds £250, the 
charge. will be increased by ro/- for every additional 
£100 or fraction of £100. These amounts to be paid 
before the connection is made. 


5 
No supply will be granted unless a ball valve over 


a watertight cask or tank is provided to the 
satisfaction of the Surveyor. 


The cost of any necessary pipes and fittings pro- 
vided and fixed by the Council for the purposes 
of the supply to be payable before any water 
is used. | 


_ ‘lhe consumer to give a written notice to’ the 
Surveyor when the erection of the buildings for 
which the supply has been afforded is complete, 
in order that the service pipe may be discon- 
nected. The cost of such work to be repaid by 
the consumer on demand. 


Any damage done to the fittings during the con- 
tinuance of the supply to be made good at the 
expense of the consumer. 


11.—Water for trade purposes (other than building 
purposes) will be supplied by meter on the conditions 
herein at the following rates per 1000 gallons, exclusive 
of meter rents. Amounts payable quarterly. 


Per 1,000 Gallons or 
fraction thereof. 
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12.—Water for purposes other than those previously 
specified will only be supplied under a special agree- 
ment. 


13.—Meters will be supplied and fixed by the Council 
at the following half-yearly rents :— 
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14.—No communication or. service pipe shall be 
connected with the mains of the Council save by the 
workmen of the Council and until the service pipes, 
stop-cock and fittings are laid and fixed and duly 
approved by an authorised official of the Council. 
When such service pipes are laid to a point two feet 
outside the boundary line of private property, the 
Council will, in the event of their mains being within 
20 feet from the last-named point, continue the service 
pipe from that point to the main, and make a connec- 
tion, free of charge. 


15.—No service pipe shall be used for the supply of 
more than one dwelling-house without the express 
permission of the Council or its Surveyor. Where more 
than one dwelling-house is served by the same service 
pipes, each house shall be separately charged on the 
basis of a separate service. 


16.—The house service pipes are to be of lead, unless 
otherwise determined by the Council, and all lead pipes 
laid or athxed in or about any premises for the convey- 
ance of or in connection with the water supplied by the 
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Council, shall be of equal thickness throughout and of 
at least the wfights following, that is to say :-— 





Zin. diameter, 6 lbs. per lineal yard. 
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17.—The joints in every pipe provided for the con- 
veyance of water supplied by the Council must be what 
is generally known as a “Solder Wiped Joint.” In no 
fase will a “Copperbit” or “ Blowpipe’”’ :Joimt ‘be 
allowed. 


18.—In any case where a tap, valve, pipe, cistern, or 
other apparatus is found to be out of order, or in such © 
acondition as to cause a waste of water supplied by 
the Council, and is not altered, repaired, or made so as 
to comply with the regulations of the Council within 
the time specified in any notice sent to the occupiers or 
owners of the premises by an authorised officer of the 
Council, the water will be forthwith shut off from the 
premises. 


19.—In every case where a serious waste of water is 
discovered, the water will be forthwith shut off and 
notice will thereupon be sent to the owner or occupier, 
giving the necessary particulars of the repairs or alter- 
ations required, before the water is again turned on to 
the premises. 


20.—The consumer will be held responsible for any 
leakage or waste of water which may arise or be 
occasioned by the service pipes in connection with his 
premises. 
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21.—Every draw tap shall be of the screw-down kind, 
and where provided in connection with any stand pipe 
or other apparatus outside any dwelling-house, shall 
be of the waste-preventing kind, and protected as far 
as possible from injury by frost, theft, or mischief. 


22.—No pipe shall be used for the conveyance of 
water supplied by the Council which is laid or fixed 
through, in, or into any place where the water conveyed 
through such pipe may be liable to become fouled, 
except when unavoidable, and then in every such case 
such pipe shall be passed through an exterior air-tight 
and water-tight cast iron pipe of sufficient length and 
strength and of such construction as to alflord due 
protection to the water pipe and to bring any leakage 
or waste therefrom within easy observation. 


23.—Any service pipe used or intended to be used to 
convey water supplied by the Council shall not be so 
fixed or fitted as to communicate directly with any 
steam or hot water boiler or urinal or with the appa- 
ratus of any water closet other than a service cistern 
or water box. 


24 -—-Every warning pipe shall be placed in such a 
situation as will admit of the discharge being readily 
ascertained by the officers of the Council. 


25.—Every water closet cistern shall have an efficient 
waste-preventing apparatus, so constructed as not to 
be capable of discharging more than two gallons of 
water at each flush. 


_ 26.—Every down pipe for the discharge of any water 
into the pan or basin of any water closet shall have an 
internal diameter of not less than one inch and a 
quarter, and if of lead shall weigh not less than 9 Ibs. 
to every lineal yard. 
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27.—Every bath in which water supplied by the 
Council shall be used shall have the inlet or inlets 
thereof distinct from and unconnected with the outlet, 
and so that the same shall be easily visible and 
accessible. 


28.—No bath supplied with water by the Council 
shall have an over-flow waste pipe, except it be so 
arranged as to act as a warning pipe. 


29.—Every service pipe laid for the conveyance of 
water supplied by the Council shall, when laid in open 
ground, be at least two feet below the surface, and 
shall, in every exposed situation, be properly protected 
against the effects of frost. 


30.—Every communication pipe for the conveyance 
of water supplied by the Council into any premises 
shall have at or near its point af entrance into such 
premises a sound and suitable stop-valve of the screw- 
down kind, with an area of waterway not less than that 
of a half-inch pipe, and not greater than that of the 
communication pipe. 


31.—If placed in the ground, such stop-valve shall 
be protected by a proper cover and guard box. 


32.—Every cistern used in connection with the water 
supplied by the Council shall be made and at all times 
maintained watertight, and be properly covered and 
placed in such a position that it may be readily in- 
spected and cleansed. Every such cistern shall be 
provided with a sound and suitable ball-tap of the 
valve kind for the inlet of water. = 


33-—No service pipe laid, fixed or used on any pre- 
mises for the supply of water by the Council, shall 
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communicate with any cistern, butt, or other receptacle 
buried or excavated in the ground or used for the 
storage of rain water or water not supphed by the 
Council. 


Ed 
34.—All pipes and fittings are to be inspected and 
approved by the Surveyor of the Council previous to 
being covered in, or to the water being laid on. 


35.—No alteration or extension shall be made in any 
fittings in connection with the supply of water by the 
Council without notice in writing to the Surveyor of 
the Council, and his approval previously obtained. 


36.—Any change of ownership of premises supplied 
with water by the Council must be immediately 
notified to the Council. 


37.—The plumber employed by any consumer must 
be one approved by the Council. 


38.—The Council reserve to themselves the right to 
add to, alter and vary, all or any of the foregoing 
charges and conditions for the supply of water. 


39.— These regulations shall come into force on the 
25th day of March, 1910, on which date all previous 
regulations shall be repealed. 


BEN. MATTHEWS, 
Chairman. 
EDWARD HARRIS, 
Clerk. : 


Council Offices, 
Alexandra Road, Swansea, 


Sth March, 1910. 
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Using or taking water without Agreement. ., 
Wasting, mis-using or fouling water. 


Opening or injuring pipes, valves, &c. 


The Council call special attention to the 6 tolloncen i 
Statutory PC Ovas Ou VIZ. i 


Sections 59 and 60 of the lhaiecners ie 
1847, viz. :— 


SECTION 59.—Every person, who, not having agreed to be supplied 
with water by the undertakers, shall take any water from any 
reservoir, watercourse, or conduit belonging to the undertakers, 
or any pipe leading to such reservoir, watercourse or conduit, or 
from any cistern or other like place containing water belonging 
to the undertakers, other than such as may have been provided 





for the gratuitous use of the public, shall forfeit to the under- 


takers for every such offence a sum not exceeding ten pounds. 


SECTION 60.—Every person who shall wilfully or carelessly break, 
injure, or open any lock, cock, pipe, valve, work or engine 
belonging to the undertakers, or shall flush or draw off the 
water from the reservoirs or other works of the undertakers, or 
shall do any other wilful act whereby such water shall be 
wasted, shall forfeit to the undertakers for every such enone a sum 
not exceeding five pounds. 


“Sections 17, 18, 19, & 20 of the Waterworks Clauses Act, 
1863, viz. :-— 


_ Section 17.—If any person supplied with water by the undertakers 
wilfully or negligently causes or suffers any pipe, valve, cock, 
» system, bath, soil-pan, water-closet, or other apparatus or 
receptacle to be out of repair, or to be so used or contrived as 
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that the water supplied to him by the undertakers is or is likely 
to be wasted, mis-used, unduly consumed, or contaminated, or 
so as to occasion or allow the return of foul air, or other noisome 
or impure matter into any pipe belonging to or connected with 
the pipes of the undertakers, he shall for every such offence be 
liable to a penalty not execeding five pounds. 


SECTION 18.—If any person :— 


First, not having from the undertakers ‘a supply of water for 
other than domestic purposes, uses, for other than domestic 
purposes, any water supplied to him by the undertakers ; or 


Secondly, having from the undertakers a supply of water for 
any other than domestic purposes, uses, for any purposes other 
than those for which he is entitled to use the same, any water 
supplied to him by the undertakers ; 

he shall for every such offence be liable to a penalty not exceeding 
forty shillings, without prejudice to the right of the undertakers 
to recover from him the value of the water mis-used. 


SECTION 19.—It shall not be lawful for the owner or occupier of any 
__ premises supplied with water by the undertakers, or any other 
person, to affix or cause or-permit to be affixed any pipe or 
apparatus to a pipe belonging to the undertakers, or to a com: 
munication or service pipe belonging to or used by such owner, 
occupier, consumer, or other person, or to make any alteration 
in any such communication or service pipe, or in any apparatus 
connected therewith, without the consent in every such case of 
the undertakers ; and if any person acts in any respect in contra- 
vention of the provisions of the present section, he shall for every 
such offence be liable to a penaity not exceeding five pounds, without 
prejudice to the right of the undertakers to recover damages from 
him in respect of any injury done to their property, and without 
prejudice to their right to recover from him the value of any water 
wasted, mis-used, or unduly consumed. 


LE 


SECTION 20.—If any person not being supplied with water by the 
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undertakers, wrongfully takes or uses any water from any reser- 
voir, watercourse, conduit, or pipe belonging to the undertakers, 
or from any pipe leading to or from any such reservoir, water- 
course, conduit, or pipe, or from any cistern, or other like place 
containing water belonging to the undertakers, or supplied by 
them for the use of any consumer of the water of the under- 
takers, he shall for every such offence be liable to a penalty not 
exceeding five pounds. 


Section 60 of the Public Health Act, 1875. 


If any person wilfully or by culpable negligence injures or suffers 


to be injured any meter or fittings belonging toa local authority, 
or fraudulently alters the index to any meter, or prevents any 
meter from duly registering the quantity of water supplied, or 
fraudulently abstracts or uses water of the local authority, he 
shall (without prejudice to any other right or remedy of the local 
authority) be liable to a penalty not exceeding forty shillings, and 
the local authority may, in addition thereto, recover the amount of 
any damage sustained. The existence of artificial means, under 
the control of the consumer, for causing any such alteration, 
prevention, abstraction or use shall be evidence that the con- 
sumer has fraudulently effected same. 


eve ey. Avo i 
SERGE euetini ee : ih 


nit GT tat Pag ty 


einai bre: 
ae | bins 
a nao asters nit Te sae 
Saas ice 


“ eae i 


tee 


sit sitio 


wT 


Ag urdie gun 
aa SUI 


‘yobau | aceon 


i 
wont See 


s “fod 45) ry Lat” 


‘ 


ap art Ge 


+ 


ee a ials or eee ee 
ae 2x5 oe jh toe 
Ve. Kee ii Saree Fi ie 


AGE sae8) 
‘wtf eit oe , 
eh hrabe ae 
‘ ee we Ag +i aff 4) nie % : 
fa oe 7 if “a af a 


ost See OF 











